SPAIN 


Organizations Contacted : 

AENOR 

Fernandez de la Hoz 

Madrid 

Spain 

Tel: (1) 4104851 
Fax: (1) 4104976 


Instituto Nacional de Medicina y Seguridad 
del Trabajo 
Servicio CIS 
Ciudad Universitaria 
Pabelldn 8 
E-28040 Madrid 
Spain 

Tel: (1) 2441400 


Source: https://www.industrydocuments.ucsf.edu/docs/xfwkOOOO 


2501045675 



Standards Documents Obtained/Consulted Thus Far : 


UNE 100-011-88 

Climatizacidn. La ventilacidn para una calidad aceptable del 
aire en la climatizacidn de los locales. 

(Air conditioning. Ventilation for acceptable air quality in 
the air conditioning of rooms.) 


UNE 100-012 

Climatizacidn. Bases para el projecto. Zona de biemestar. 

UNE 100-013 

Climatizacidn. Bases para el projecto. Condiciones 
interiores de c&lculo. 


In addition, ILO/CIS has been contacted to obtain further 
information on workplace exposure limits for hazardous 
chemicals and other indoor pollutants. 


Source: https://www.industrydocuments.ucsf.edu/docs/xfwkOOOO 


2501045676 



Kev Indoor Ventilation Standard ; 


UNE 100-011-88: 


(1) Ventilation standards: 


- Offices: 7.5 1/s - 15 1/s per 

person, depending on office 
type 

- Smoking lounges: 25 1/s per person 


- Restaurants: 


10 1/s per person 


Bars, cafeterias, 
etc.: 


12 1/s per person 


[Note: This is a selection. The standards cover an extensive 
list of residential and commercial spaces. The standards 
referene the now superseded ASHRAE standard 62-1981 R (1986).] 


Source: https://www.industrydocuments.ucsf.edu/docs/xfwkOOOO 


2501045677 



Kev Indoor Ventilation Standard : (Cont.) 


( 2 ) 


Concentration limits for exterior air employed for 
ventilation: 


Chemical 

Carbon Monoxide 

Nitrogen Dioxide 
Sulphur Dioxide 

Particulates 


Exposure Limit 


10,000 Mg/nu (8h) 

40,000 Mg/m (lh) 

3 

100 Mg/m (1 year) 

3 

80 Mg/m *>(l year) 
365 Mg/m (24h) 

3 

75 Mg/m _(1 year) 
260 Mg/m (24h) 


Source: https://www.industrydocuments.ucsf.edu/docs/xfwkOOOO 


2501045678 



